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DO NOT ENTER THE TOP OF CONTROL PANEL 

AMPLIFIER CABINET 


DO NOT ENTER THE TOP OF CONTROL PANEL 

TRANSPONDER CABINET 


SMELDS SEE 
DETAIL *3* 


TO 30 AMP (EXISTING) 
FUSE CUT OUT 
PER P/A DRAWINGS 
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I HEREBY CERTIFY THAT THIS IS A T RUE W D 
CORRECT COPY OF ONE OF THEPI^REWCS 
DRAWINGS FOR CONTRACT NO, WlC' 0bh±l> 
IN THE FORM IN WHICH SAID DRAWINGS 
EXISTED AT THE TIME THE SAID CONTRACT 
WAS EXECUTED BY/ 
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XNET-A 
XNET-B 

wct-a 
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ALD 
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X-JseTWCffcC *A* CIRCUITS 
X-*CTX?ft< "B* CiRCWTS 
M^CTWORK *A* C43RCUT 
M->£YwORK *B* OfcOJiT 

LOW LEVEL CMANfCL i RlS©* ^A6£/ALERT} 
LOW L£va CMANfcEL 2 RiSB* (EVACJ 
LOW LEVEL TaffW€ R*S©R HBJ 

Hia*^ level c«A*&eL i 

hjg« Leva CHAfr&CL 2 

A\ALOe LOC*=> D^VER fL-*J 

C^ME>^^<>iAL Sf^KAL MODULE fS~^ 

DA5*K SOLID UM9P5J rHDtCA** 
W£»K TO B€ DONE, 

ExrST^& TO ©C «?£MOV«> 

U6*rt SOLO L^«f5J PCWCATE 
EXISTING TO RCMArv 

DAPK LNEf^i GOKSATg 

exiST^s wseiN^ to ee «^elocath> 


WiRING 


1. ALL AC POt*ER S**ALL 06 »U3 AW5 Wf2 fWTE < BLACX^. 

2, AMRLiFiSR SATTmr m SHALL BE »lO AH© XHHW-2r (1R£P « BLAOO, 

3= MISH LEVEL HXAO, SPEA<ER, CONTROL « SOLENOrD CfROFlTS SHALL BE «14 AW^ 

4 tOW LEVEL ALC*a NCTHO^IC ALP. STR09E 7ELB=HO*C CIRCUITS SHALL 3E 
«M4 AW© SHELPED TEFLON, 

5 ALL WHRiNS DEVICES, TER^ALS. CO**€CTC«S, ETC SMALL BE UL LISTED / HEA 
APPROVES TYPE WIRE USED 

6 ALL TBRMWAL C<^*CCTO«feS FO« »lO AW5 SHALL BE APPROVED FOR SOLID WIRE 
GOtfCOnON 


NOTES 


O SYSTEM SHALL BE INSTALLED IN ACCORDANCE WITH SPECIFICATIONS, 
APPLICABLE CODES AND THE CONTRACT DOOfrCNTS. DISCREPANCIES. 
CONFLICTS A*C> OMISSIONS FOUIO ON ANY DOC0MENT, DRAWING, SKETCH, ETC. 
SHALL BE REPORTED IMMEDIATELY TO THE EH^NEER. INSTALLING 
CONTRACTOR SHALL NOT PROCEED UNTIL CLARIFICATION AND RESOLUTION 
IS ISSUED IN HRJTiNS BY THE ENGINEER ALL WORK SHALL BE FULLY 
INSPECTED MO TESTED BY THE MANUFACTURERS (SIE**CNS~OERBERUS DIVISION) 
CERTIFIED SYSTEM TECHNICIAN IN COORDINATION WITH THE ENCrfNEER. 

2} ALL CONJCCTIO^ MADE DIRECTLY OR I^IRECTLY TO THE MANUFACTURERS 
(SIEMENS-CERBERUS DIVISION) EQUIPMENT AND SYSTEMS SHALL BE \H 
ACCORDANCE WITH T>€ CONTRACT DOCUMENTS. METHODS OR MATERIALS 
NOT APPROVED FOR USE WITH THIS EOUIPhCNT BY THE MANL*=ACTTJRER 
(SJEMENS-CERBERUS DIVISION) SHALL NOT BE EMPLOYED, 

3) CONTRACTOR SHALL PERFORM ALL WORK SHOWS! ON SIEMENS- 
CERBERUS DIVISION DRAWINGS, hWCH INCLUDES INTERNAL WIRING 
REMOVAL, CHANGES 4 ADDITIONS AND EXTERNAL WIRING TERMINATIONS 
AS *£LL AS COMPO*CNT INSTALLATION ALL WORK SHALL BE 
PERFORMED IN T>e PRESENCE OF THE ENGINEER. 


•SHRfl« TUBE" 
CLEAR OVERSIZED 


OJT SHIELD PLUSH 

WITH END Of CVTER JACKET 


MAINTAIN TW5T 


PRAIN HIRE 
TERMINATED 


IMSU-ATCP 


COTOUCTOR 
•DRAW - UNINSULATED 


14& TEPU7M 


•SHRiMt TUOE' - CLEAR 
50«5LE 


DETAIL "A" - TYPICAL SHIELD/DRAIN INSULATING METHOD 




i 



to 


o 
o 

00 


O 
C 

3 
I 


O 


go 

■iii^ ■ 

a 



8 to or 

a> i o 

*fe o u - 

2 Si2o 

3 o S 

a> Ho 
c 

E o-, 

(0 aoa 


o 
^ < 

< 


? ^ ^ 


<: uj 
< S 

UJ ? 
< 


i i W 

< -J 


c 


:0 


Ui 

a: 
a, 

I 


OR^WN 5> 


NONI 


JOB MO- 

861.5/3 


C-ECKD 5 V 


SH 


■ ■ I J. I w 


